





































































-METAL RIDGE ROLL 

.CORRUGATED METAL ROOFING 


2x6” PURLIN, 2'-0 1 ' 0-C.' 


SEE INSULATION DETAIL^ 


OVERHANG PURLINS 9" 
ON BOTH SIDES OF 
5-O‘V 6- 6" ROOM- 


SEE BAFFLE AND INTAKE DETAIL- 


V* C-C EXTERIOR PLYWOOD" 

4x4 TREATED POST 12-0“ OX.-- 

2x4 BASE PLATE-- 

ANCHOR BOLT 10“ LONG 

6'-0 H 0X. —4^ 


-2 INSULATION 


-6 MILL PLASTIC 
VAPOR BARRIER <r> 


-Va” C-C EXTERIOR PLYWOOO 


2x10 SLIDING DOOR SUPPORT 
AT ENDS OF HOUSE 


COMMERCIALLY AVAILABLE TRUSS SPACED 12-0" O.C. 

20 LBS. PER SQ. FT LIVE LOAD 

SEE FAN DETAIL 


,4 CONCRETE 


VAPOR BARRIER 


(2) 2*4 
s TOP PLATE 

\ 

\ 


SECTION A~ A 

SCALE: 3 / 8 *=\'-CT 


^4”GRAVEL 






COR. METAL ROOF I NG- 
4" INSULATION BATT ^ 

2"X 6” PURLINS 2'— 0" O. C. 


,TR» PLY VAPOR BARRIER r 0 Q 
.^COMMERCIAL TRUSS _ 

__COLD WEATHER POSITION 
(BAFFLE) 

_^HOT WEATHER POSITION 
(BAFFLE) 


Jj 

—- 

- -ff— -Nvl- 

^ ■ - - 

- 


f*4j H'-oV 



COMMERCIAL TRUSS 


3/4" PLYWOOD 
WELDED PLATE 


' 3/4" 01 A. ROD, ENTIRE 
LENGTH OF HOUSE 


COMMERCIAL TRUSS 


3/8” C—C EXT. PLYWOOD 
2'-0” X 8’ - O* 


AIR INTAKE 


PAINT INSIDE OF INTAKE 
WITH FLAT BLACK PAINT 

- , _ / 


><^ U ‘ B0LT 

WE LOEO PLATE 

v (2) 2 H X4" TOP PLATE 

' 3/e" C-C EXT PLYWOOO 

VAPOR BARRIER 

' 2 H INSULATION BATT 


2" X 4” X 24“ 2’-0'’ 0. C. 

BAFFLE AND INTAKE DETAIL 


|"X6** X2'-0“ PURLIN SPLICE 



COMMERCIAL TRUSS 
12’—0* O.C 


// 

f V 


2 “ X 6“ PURLIN 
- 2’- 0" O.C. 


ROOF FRAMING DETAIL 


Ml 
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INSULATION 8ATT 


COR METAL ROOFING <F»-I3) / 


mm 


TRI-PLY VAPOR BARRIER 



15 LB. BUILDING FELT 


COR. METAL ROOFING 




2 X 4 PURLIN. 
2*-o" 0. C. 


COMMERCIAL TRUSS 
12'-O" O. C ^ 





RIGID BOARD INSULATION 


INSULATION DETAIL 


/ 2X4 PURLIN 

I' 0-0.0. 

COMMERCIAL TRUSS 
l2'-0" O. C. 


2"X 4" STUD 2-0"0.C. 


3/8 C-C EXT. PLYWOOD OUTSIDE WALL 


j INSULATION (R-7) 







"TTHTU VAPOR BARRIER 6 MIL 

>j^rrrr ^polyethelene or tri- 

V j ;ii±W PLY 

i'-j/ 3/0" c-c EXT. PLYWOOD 

s INSIDE WALL 


ALTERNATE DETAIL 




WALL CONSTRUCTION DETAIL 


(2) 2'*X4 ‘ TOP PLATE - 
(2) 2"X*‘' HEADER "- 


FAN FHAMING 


2" X 4" STUDS 2‘- O" O. C. 


2'X 6" SHELF SUPPORT -- 


a-xio" SHELF 


FOUNDATION WALL_ 

4" CONCRETE SLAB 



2" X4 "BASE PLATE 


VIEW FROM INSIDE OF HOUSE 


(2) 2 " X 4” TOP PLATE 1 
(2}-2" X4" HEADER — 


SELF OPENING fl 
CLOSING LOUVER 


3/B C- C EXT. PLYWOOD- 
2” INSULATION BATT ' 


2"X 4 m BASE PLATE — 


FOUNDATION WALL- 



COM MERCIALLY AVAILABLE TRUSS 


FAN 24'* OIA. 6750 CFM 
AT 1/6" S P. (SPACED 30'0.G.) 


--a-XIO'* SHELF 


3/8 C-C EXT. PLYWOOO 
2*X 4" STUD 


VAPOR BARRIER 

4"CONCRETE SLAB 


SECTION 


FAN DETAILS 
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12/3 ___ 

HI 12,2G - 100 AMP BOX 

iil ' 2 ' J S —|r}—- 1 2 |20*h 

*mr 

Li ULi 

LI6HTS —. 

_|20A|t s |2b«j_' 2 

LIGHTS l2/2 - 

-|20Al3 10 |i5A|— 

SPARE .- 

12 I5<vl | 


SECTION E-E 


ELECTRICAL DIAGRAM 


TO FAN IO 
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R=L. 

1—1 

-0- 

<> 

“O' f 

1_1 


ii 


RJ l2/2<? -tlJ 


(2/2 G 


I2/ 2G 




~Ir I——|.t j 

--[01-- LIGHTS 
~{p}~ LIGHTS 
|Ol LIGHTS 

-FEEDER 

MOTOR 


-AUGER 

MOTOR 


240 VOLT CIRCUITS 


CIRCUIT BREAKER NO. I - 2 FAN CIRCUITS 
CIRCUIT BREAKER NO. 2- 2 FAN CIRCUITS 
CIRCUIT BREAKER NO. 4 ~ 2 FAN CIRCUITS 
CIRCUIT BREAKER NO. 10- FEEDER MOTOR 
CIRCUIT BREAKER NO. 12 - AUGER MOTOR 
CIRCUIT BREAKER NO 3 2 FAN CIRCUITS 

CIRCUIT BREAKER NO. 6 -2 FAN CIRCUITS 


120 VOLT CIRCUITS 

CIRCUIT BREAKER NO. 3- RELAY CONTROL CIR. 

CIRCUIT BREAKER NO 7- LIGHTS ON ONE SJOE 
CIRCUIT BREAKER NO. 0- CENTER LIGHTS WITH DIMMER 
CIRCUIT BREAKER NO. 9-LIGHTS ON ONE SIOE 


SYMBOLS 


T.' — TIMER 

Tk — THERMOSTAT 
fl — RELAY 
D — DIMMER 



BATTERY OPERATED RELAY CONTROLLED ALARM 
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Disclaimer 


This site makes available conceptual plans that can be helpful in developing building 
layouts and selecting equipment for various agricultural applications. These plans do not 
necessarily represent the most current technology or construction codes. They are not 
construction plans and do not replace the need for competent design assistance in 
developing safe, legal and well-functioning agricultural building system. The LSU 
Agriculture Center, the Mid-West Plan Service, the United States Department of 
Agriculture and none of the cooperating land-grant universities warranty these plans. 



